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Foreword 


(This Foreword is not a part of ANSI/IEEE C57.13.3-1983, IEEE Guide for the Grounding Instrument Transformer Secondary 
Circuits and Cases.) 


The Guide for the Grounding of Instrument Transformer Secondary Circuits and Cases was originally published in 
March, 1951, as AIEE Application Guide No. 52. This original guide went out of print in 1976. The proposed new 
guide, ANSI/IEEE C57.13.3-1983, is intended to replace the original ATEE No. 52 and to update its content to include 
present practices. The primary emphasis of the new guide is personnel safety. 


A number of diagrams have been included in the new guide to help illustrate recommended practices. The 
recommendations of the current National Electrical Code and the practices of various public utilities and 
manufacturers were taken into consideration. Hence, this guide recognizes the more commonly accepted practices and 
incorporates them into a general set of rules, with permissible exceptions. 
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An American National Standard 


IEEE Guide for the Grounding of 
Instrument Transformer Secondary 
Circuits and Cases 


1. Introduction 


1.1 General 


The primary emphasis of this guide is personnel safety and proper performance of relays at powerline frequencies. The 
grounding and shielding of cables and other grounding considerations are not addressed. However, references dealing 
with these and related subjects are included in the Bibliography. 


Historically, it has been common practice in the US to connect some part of the secondary circuit of voltage and 
current transformers to the station ground system. The present preferred practice is to locate this safety ground with 
suitable ground isolation test facilities at the first point of application (switchboard or relay panel) of the instrument 
transformer secondary circuit. The circuit ground isolation facilities will permit convenient testing of circuit insulation 
to ground. 


Previous publications have made significant contributions to consistency in some areas of grounding practices. This 
guide will include those contributions that are generally practiced today, make revisions where present experience and 
practice indicate them to be desirable, and make recommendations in new areas of interest not previously addressed. 
Diagrams are included to illustrate the recommendations. 


1.2 Scope 


This guide contains general and specific recommendations for grounding current and voltage transformer secondary 
circuits and cases of connected equipment. The practices recommended apply to all transformers of this type, 
including capacitive voltage transformers and linear couplers, irrespective of primary voltage or whether the primary 
windings are connected to, or are in, power circuits or are connected in the secondary circuits of other transformers as 
auxiliary cts or vts. Although most diagrams included in this guide show relaying applications, the recommended 
practices apply equally to metering and other areas where instrument transformers are used. 


Exceptions to grounding are permissible or sometimes required where advantages obtained by not grounding, in 
certain instances or in certain types of installations, are considered to outweigh the safety or other advantages obtained 
by grounding. Such exceptions should comply with the recommendations of ANSI C1-1987 [1] "even though utilities 
are presently exempt from the requirements of this code. 


'The number in square brackets corresponds to that of the reference listed in 1.3 of this standard; bracketed numbers preceded by B correspond to 
Section 5, Bibliography. 
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1.3 References 
When this American National Standard is superseded by a revision, the revision shall apply. 


[1] ANSI C1-1987, National Electrical Code.” 


2. Grounding of Instrument Transformer Secondary Circuits 


2.1 Introduction 


Each secondary circuit should be a completely self-contained metallic circuit insulated from ground, except at one 
point in the circuit. At this physical location in the installation, the circuit should be solidly grounded through a 
conductor of adequate size. (See Section 4 for permissible exceptions and 2.5 for conductor size.) 


For purposes of this guide, an instrument transformer secondary circuit consists of all instrument transformer 
secondary windings and all of the coils, contacts, and other components that are connected together in a metallic 
circuit to the instrument transformer secondary. 


2.2 Ground Connection to Only One Point in the Secondary Circuit 


The instrument transformer secondary circuit, irrespective of the number of instrument transformer secondary 
windings connected to or in that circuit, should be connected to the station ground at only one point. Usually, the 
common return circuit for two or more transformers in a set are made into a secondary common neutral. This neutral 
should then be connected to the station ground bus at only one point, so that the station ground bus itself will never 
serve to complete any part of the instrument transformer secondary circuit. 


The reasons for making this ground connection only at a single point in each circuit are as follows: 


1) To prevent differences of potential in the instrument transformer secondary circuit because of differences of 
potential between different points in the station ground grid. These differences are caused by the flow of fault 
current through the ground grid. Such differences of potential can result in the flow of current through the 
relay, instrument, and meter coils and cause possible incorrect performance of the relay and inaccuracies in 
the readings of the instruments and meters. High neutral conductor currents resulting from multiple ground 
connections to the neutral can cause thermal damage to the neutral conductor. 

2) To facilitate the temporary removal and reestablishment of the ground connection, when desired, in order to 
make periodic tests for deterioration of insulation and accidental grounds in the instrument transformer 
secondary circuit. 


For convenience, some users make a common neutral connection for the individual neutrals or wye points of two or 
more sets of transformers into a neutral bus and then connect this neutral bus to the station ground bus at only one 
point. It is not recommended that neutrals or wye points of two or more sets of transformers be connected into a 
common neutral bus because of the difficulty caused when it is desired to make insulation tests from one set of 
transformer secondary circuits to ground. Removing the one known or intentional ground to test the one secondary 
circuit will remove the necessary safety ground for the other secondary circuits that may still be energized. 
Recommended arrangements for circuit grounding are discussed in 2.6. 


2This document is published by the National Fire Protection Association, Batterymarch Park, Quincy, MA 02269. Copies are also available from the 
Sales Department, American National Standards Institute, 1430 Broadway, New York, NY 10018. 
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2.3 Recommended Point of Grounding 


The point of grounding in the instrument transformer secondary circuit should be located electrically at one end of the 
secondary winding of each instrument transformer and physically at the first point of application (switchboard or relay 
panel) of the instrument transformer secondary circuit. This practice will provide the maximum protection for 
personnel and connected equipment at the switchboard, which is the point where they are most apt to be exposed to 
circuit overvoltages. However, it is permissible to ground at some other point in the secondary circuit if the 
arrangement of the secondary windings or devices in the circuit makes this necessary in order to obtain correct 
equipment performance, or if the advantages of the desired performance are considered to outweigh the advantages of 
the direct grounding of the secondary windings. For these instances, it is satisfactory to ground those secondary 
windings not directly connected to ground, through the coils of relays or instruments and meters or other elements that 
form part of the secondary circuit, or through the secondary windings of other solidly grounded transformers, or both. 


Following are specific examples of the preferred practice: 


1) One end of the instrument transformer secondary winding in a circuit supplied by a single transformer should 
be connected to a single ground. 

2) The common point of connection of the secondary windings of all instrument transformers in a circuit 
supplied by two or more transformers should be connected to a single ground. This recommendation applies 
where two or more instrument transformers, or sets of instrument transformer secondary windings are used in 
any combination having a common secondary return circuit, including the following: 

a) parallel or cross-connected transformer secondaries 
b) _ three single-phase transformers wye-connected to form a 3-phase connection 
c) two Series or open-wye or open-delta connected instrument transformer secondaries 

3) The secondary circuit of three or more voltage or current transformers connected in delta, or in some other 
manner, so that no common point of connection is available for all of the transformer secondaries, should 
have the common point between the greatest number of the secondary windings connected to ground. 

4) When the secondary windings of two or more sets of current transformers are interconnected but cannot have 
a common neutral connection, then the common secondary neutral connection for the greatest number of 
these transformers should be the point of connection to ground. A specific case occurs where some of the 
interconnected current transformers have delta-connected secondary windings for supplying differential 
protective relays. 


2.4 Location and Making of Connection to Ground 


Instrument transformer secondary circuits have been connected to ground at the instrument transformer location and at 
the secondary burden location (and sometimes at both locations). Connection of the instrument transformer secondary 
circuit to ground at or near the instrument transformer location limits the voltage stresses primarily to the instrument 
transformer secondary windings. However, secondary burden devices at the switchboard, which may be several 
hundred or even several thousand feet from the instrument transformer location, could be subjected to significant 
overvoltages during power system short circuits to ground. Also, test and operating personnel are more apt to be 
working at the switchboard than at the transformer location. Consequently, it is common practice to locate the 
instrument transformer secondary circuit ground at the first switchboard contacted as stated in Section 1. This provides 
the maximum practical protection to personnel and secondary circuit connected equipment. This location also 
conveniently facilitates the testing requirements of 2.2 (2). 


For unused instrument transformer secondary windings, the connection to the station ground bus may be made at the 
transformer location or at the switchboard, if the secondary circuit of the unused winding has been extended to the 
switchboard. Methods 1 and 2 in Fig 1.A illustrate the treatment of unused voltage transformer secondaries. Figure 8 
illustrates unused current transformer winding grounding. The one connection to ground at the switchboard, rather 
than at the transformer, prevents a second ground from being added at the switchboard by someone not knowing that 
one already existed at the transformer. However, grounding the unused winding at the switchboard creates a much 
greater probability that noise will be coupled from the unused winding to the used winding during ground faults on the 
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system. If noise coupling is a problem, connection of the unused winding to the used winding neutral at the 
transformer location as shown by Method 2 in Fig 1.A is recommended. 


Where it is permissible to install the ground at the transformer location (such as for an unused winding, etc), the 
connection to ground may be made from the instrument transformer secondary circuit directly to the ground bus or to 
the grounded metal structure, whichever is more convenient. If the connection to ground is made through the metal 
structure, the paint or other nonconductive coatings, or both, should be removed or penetrated at all points of 
connection to ensure the making of good electrical contact with the metal. 


The connection to ground should be made in an accessible location to facilitate its temporary removal and 
reconnection for test purposes. It should not be made through fuses or through the contacts of any testing or switching 
device that can be inadvertently opened or left open. Sliding link terminal blocks are considered inappropriate by some 
users for this reason. 


2.5 Minimum Size of Conductor for Ground Connection or Neutral Bus 


The grounding conductor and secondary neutral bus, or both, should be conductors as large or larger than the 
secondary phase conductors. If made of copper, they should never be smaller than No. 12 AWG wire, for mechanical 
reasons. If made of other metal, they should have equal conductance, strength and current carrying capacity. 


If the coil of a device forms part of the circuit to ground for an instrument transformer secondary winding as described 
in 2.2, any size of wire of sufficient mechanical strength for use in the device itself, because of its protected location 
in the device, is also satisfactory for the purpose. However, all conductors external to the device itself, which ground 
this circuit, should in every case conform to the requirements in the preceding paragraph. 


2.6 Ground Connection Isolation Test Facilities 


The instrument transformer secondary circuit connection to ground should be made in such a way as to permit 
convenient removal for isolation or testing as stated in 2.2 (2). Removal of a connection to ground on one circuit should 
not interfere with maintaining a ground on any other circuit. Because of the different configurations used for the varied 
instrument transformer secondary circuits, it is not always readily apparent how to accomplish this. The following 
discussion and examples will illustrate typical methods of providing the isolation test facility for various voltage and 
current transformer secondary circuits. 


4 Copyright © 1983 IEEE All Rights Reserved 


TRANSFORMER SECONDARY CIRCUITS AND CASES ANSI/IEEE C57.13.3-1983 


Pa (X1) 
oO 
BROKEN 
DELTA 
PS (xX) 
e 
O 
SWITCHBOARD 
TERMINAL POINTS 
1¢ PRI. 
— o 
PA 
© 
VT SEC. PB 
O ALTERNATE CONNECTION 
pa SOMETIMES USED ON 
3¢ PC A GENERATOR VOLTAGE- 
aw \ TRANSFORMER SECONDARY 
py! CIRCUITS 


{OMIT WHEN DOTTEO 
CONNECTION USED) 


METHOD 2 
UNUSED 
SECONDARY 


3¢ CONNECTIONS TO 
3w GROUND BUS AT 
SWITCHBOARD 
PA (#12 AWG CU 
o MINIMUM} 
PB 
O 
WYE 


*GROUND ISOLATING 
O CONNECTION 


NEUTRAL NOT BROUGHT OUT 
6 a a a a EE, 2 ET © 


STATION GROUND 8US IN CONTROL HOUSE 


Figure 1.A— Recommended Method for Grounding Voltage Transformer Secondary Circuits 


2.6.1 Voltage Transformer Secondary Circuits 
2.6.1.1 Typical Metering and Relaying Applications 


Figure 1.A includes the more common types of voltage transformer circuits used for metering and relaying. The 
neutral is normally grounded on 3-phase 4-wire circuits as shown. An exception is sometimes found with wye-wye 
connected voltage transformers on generator leads. The voltage transformer secondary neutral may be provided for 
connection to phase-to-neutral loads with the ground being on a phase (usually B). This reduces the possible 
occurrence of voltage transformer secondary phase-to-neutral faults that would appear to be phase-to-ground faults on 
the generator leads. Phases A or C to ground short circuits would be reflected through the voltage transformer as a 
phase-to-phase fault on the generator leads. Since phase-to-neutral short circuits can occur between phase B and 
neutral, or neutral to ground, or by short circuit of any phase-to-neutral loads, coordination between primary protective 
devices and voltage transformer secondary protective devices should be considered. 
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The three-phase, three-wire circuit is in common use today for voltage transformer circuits in metal clad switchgear. 
It has also been used frequently in the generator and auxiliary bus voltage transformer circuits in power plants. It is 
common practice to ground one of the phases, usually B phase. Figure 1.A shows the present preferred method of 
providing this ground for both the open delta and the wye connection with the neutral not brought out. (This latter 
arrangement is used when it is desirable to eliminate coordination problems between primary protective devices and 


voltage transformer secondary protective devices for phase-to-neutral short circuits or phase-to-ground insulation 
failures.) 
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Figure 1.B—Typical Grounding Methods for Some Power Transformer Secondary Circuits When 
Used Also for Relaying and Instrumentation 


Where power transformers are used to also provide voltage for metering or relaying applications, or both, additional 
hazards are created due to the power output capabilities or the construction of these transformers not providing ground 
isolation between primary and secondary windings. Although these transformers are not instrument transformers, their 
application for metering and relaying is commonplace. Figures 1.B and 7 illustrate preferred methods of handling the 
grounding of these devices' secondary windings and cases, including the use of separate isolation transformers where 
primary and secondary grounds cannot be separated. This situation is often encountered with generator neutral 
grounding transformers and grounding banks used to provide system grounding on otherwise ungrounded systems. 
The reader should refer to ANSIIEEE C62.92-1987 [B5] . 
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2.6.1.2 Synchronizing Circuits 


Voltage transformer secondary circuits used for synchronizing are sometimes more difficult to arrange to meet the 
requirement of removal of a ground on one circuit not interfering with the grounds on other circuits because many 
circuits converge at the synchronizing scope. Several examples are given to illustrate the problem and to suggest 
solutions. 


Figure 2 shows a typical scope circuit without synchronizing lights. As shown, the scope is used for only two circuits. 
Note that both voltage transformer secondaries are grounded and not switched by the 25SS switch, but this is 
satisfactory because of the isolation between the neutrals provided by the internal construction of the scope. 


Figure 3 shows expansion of the circuit to include multiple incoming circuits. Note the 25SS switch contact in the 
incoming circuits’ neutrals. Since only one 25SS switch is operated at a time, the incoming circuit neutrals are isolated 
from each other and multiple grounds are not caused by the scope circuit. The running circuit neutral does not need to 
be switched with this arrangement. If the same scope is used for more than one running circuit, then additional contacts 
on the 25SS switch are required to switch the running circuit neutrals as shown in Fig 4. An alternative to using 25SS 
switch contacts to switch the running and incoming neutrals is the use of isolation transformers as shown in Fig 5. 
These isolation transformers are usually rated 115-115 volt, 600 volt class, and sufficient volt-ampere capacity for the 
scope (and synchronizing lights, if used). 


Synchronizing lights, Fig 6, provide a reliable indication of the phasing between the two voltages. The lights check the 
performance of the scope and indicate when the difference frequency is too great for scope rotation. 


Note that the addition of the lights requires that the running and incoming neutrals be connected together (jumper on 
scope) resulting in two grounds on the neutral circuits. Device 25 contacts in the neutrals eliminate the influence of 
multiple grounds on other voltage circuits’ burdens except during the relatively brief periods when synchronizing is 
being done. Normally, this should be satisfactory. If, however, normal ground potential differences are such to cause 
errors in the scope and synchronizing light indications, then isolation transformers can be used as shown in Fig 5. 


2.6.1.3 Station Service Power Used for Voltage Circuits 


Some installations, especially distribution substations, use the station service transformer as one phase of a three-phase 
instrument voltage source. The station service neutral should be grounded at the switchboard and probably will also be 
grounded at the transformer. The neutral for the two voltage transformers will be grounded only at the switchboard 
(see Fig 7). To minimize the effect of multiple grounds on the phase 2 (station service) transformer, 2 1/2 element 
metering and instrumentation is connected to phase | and 3. The indicating voltmeter will, of course, be affected by 
any difference in ground potential when phase 2 line-to-neutral voltage is monitored. This is normally of no 
consequence. 


2.6.2 Current Transformer Secondary Circuits 

2.6.2.1 Unused Current Transformers 

Current transformers that are unused should have the full winding shorted at the ct location and should be grounded. 
Note that Fig 8 does not show an isolating ground jumper. An isolating jumper is not necessary for testing purposes if 
the ct is not used. 


2.6.2.2 Single Phase 


Single phase currents are utilized by relays (for example, transformer neutral currents and ground sensors), transformer 
temperature indicators, and the like. In each of these cases, the circuit should be grounded as shown in Fig 9. 


Copyright © 1983 IEEE All Rights Reserved 7 


ANSI/IEEE C57.13.3-1983 IEEE GUIDE FOR THE GROUNDING OF INSTRUMENT 


2.6.2.3 Three Phases 


The majority of all three-phase instrument and relay current circuits are wye-connected. The exception is delta cts that 
are used with transformer differential relays. Figure 10.A shows the preferred method of grounding three-phase wye- 
connected cts. Where the secondaries of two cts are connected in series for increased burden capability, the safety 
ground is connected as shown in Fig 10.B. Figures 11 and 12 show the preferred method of grounding three-phase 
delta and wye-connected cts in a typical transformer differential relay current circuit. Figures 13 and 14 illustrate the 
preferred grounding methods for bus differential current- or voltage-type relays and for bus differential percentage- 
differential current relays, respectively. Preferred ct grounding for ring-bus or breaker-and-a-half arrangements is 
shown in Fig 15. 


2.6.2.4 Multiple Use of Current Transformers 
Some special applications may require that one set of cts be used for two relay circuits such as with a double-breakered 
line. As in other current circuits, only one ground should be used for each complete metallic neutral. Figure 16 shows 


one arrangement for the interconnections of cts serving both bus differential and the line relaying. Note that use of 
isolating auxiliary cts forms three separate complete metallic neutrals requiring three grounds, as shown. 


2 SCOPE 
PB ° ae PB 


CKT. 2 RUN. INC. CKT.1 


*GROUND ISOLATION CONNECTION 


Figure 2—Recommended Method for Grounding Typical Two-Circuit Scope 


CKT. 2 


GROUNDS NOT NECESSARILY *GROUND ISOLATION CONNECTION 
ELECTRICALLY CLOSE 


Figure 3—Recommended Method for Grounding 
Typical Scope Circuit with Multiple Incoming Circuits 
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25-2 


PB 


25-1 


GROUNDS NOT NECESSARILY 
ELECTRICALLY CLOSE *GROUND ISOLATION 
CONNECTION 


Figure 4—Recommended Method for Grounding Typical Scope Circuit 
With Multiple Incoming and Running Circuits 


PB 25-2 1 ! 25-2 PB 


CKT 4 CKT. 2 


1-1 ISOLATING ~- *GROUND ISOLATION CONNECTION 


TRANSFORMERS 


Figure 5—Recommended Method for Grounding Typical Scope Circuit With Multiple Incoming and 
Running Circuits, Using Isolating Transformers to Prevent Multiple Grounds on PT Neutrals 
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SYNCHRONIZING LIGHTS 


PB 


CKT. 2 CKT. 1 


— SCOPE OR — 
oS. SYNC-CHECK RELAY 
GROUNDS SHOULD BE ELECTRICALLY 
AS CLOSE AS PRACTICAL 


*GROUND ISOLATION CONNECTION 


**THIS CONTRACT PERMITS THE TWO VOLTAGE 
CIRCUITS TO BE SEPARATELY GROUNDED. 


Figure 6—Recommended Arrangement of Neutral Circuit Grounds on Scope Circuit with 
Synchronizing Lights 


| 
o1 | 
+ SWITCHBOARD TERMINALS 
rm 
$3 ! 
= ba -- Aims GROUND ISOLATION 
f= CONNECTION 
co 
| 
2 | 
& ! 
STATION SERVICE 
L 


NOTE: BECAUSE OF THE TWO GROUNDS 
ON G(N), IT SHOULD BE SUFFICIENTLY 
HEAVY SO THAT STATION GROUND 

FAULTS WILL NOT CAUSE DAMAGE TO G{N) 


Figure 7—Method for Grounding VT and Station Service Neutrals (as Discussed in 2.6.1.3) 
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TERMINALS AT CT LOCATION 


NO CONNECTION TO TAPS 


NO ISOLATION GROUND 
JUMPER REQUIRED 


Figure 8—Grounding of Unused CT's 
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BURDEN 
i 


SWITCHBOARD TERMINALS 


4q-— BURDEN 


*GROUND ISOLATION 
CONNECTION 


Figure 9—Recommended Method for Grounding Single-Phase Current Circuits 
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TERMINALS AT CT LOCATION SWITCHBOARD TERMINALS 


Wm GROUND ISOLATION 
CONNECTION 


Figure 10.A— Recommended Method for Grounding Three-Phase Wye-Connected Current Circuits 


“S—— GROUND ISOLATION 


CONNECTION 


Figure 10.B—Recommended Method for Grounding Three-Phase 
Series-Connected Wye Current Circuits 
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SWITCHBOARD TERMINALS 


J DIFF. RELAYS 


GROUND ISOLATION 
CONNECTION 


Figure 11—Recommended Method for Grounding Three-Phase Delta-Connected CT's in a Typical 
Transformer Differential Current Circuit 


SWITCHBOARD TERMINALS 


GROUND ISOLATION 
CONNECTION 


Figure 12—Recommended Method for Grounding Three-Phase Wye and Delta CT's in a Typical 
Transformer Differential Current Circuit 
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Figure 13—Sample Circuit Showing Preferred Grounding Method for 


Bus Differential Current- or Voltage-Type Relays 


SWITCHBOARD TERMINALS 


J RESTRAINT 


To cts 
OF CKT. 3 


PHASE A 


, iY 


TO CTS 


OF CKT. 2 PHASE B 


° 
i 
x] 
rd 


CKT.1 
PHASE C 


GROUND ISOLATION 
CONNECTION 


Figure 14—Bus Differential Percentage Differential Current 
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TO METERS, 
RELAYS, ETC. 


SN 


TERMINALS 
AT CT LOCATION 


GROUND 
ISOLATING 
CONNECTION 


SWITCHBOARD TERMINALS 
(MAY BE SLIDING LINK TYPE 
TO FACILITATE TESTING) 


CONTROL HOUSE 
GROUND BUS 


Figure 15—Sample Circuit Showing Preferred Grounding Method 
for Ring Bus or Breaker-and-a-Half 


ONE SET OF CT’S ON 


ONE SET OF CT'S ON DOUBLE-BREAKER LINE 


DOUBLE-BREAKER LINE 


ISOLATING CT'S 


TO CT’S ON 
CKT. 2 


TO CT'S ON 
CKT. 4 


TO CT'S ON 
CKT.5 


Figure 16—Sample Circuit Showing Preferred Grounding Arrangement for Multiple-Use CT's 


*GROUND ISOLATION 
CONNECTION 


TO CT’S ON 
CKT.3 


DIFFERENTIALLY 
CONNECTED 
OVERCURRENT 
RELAYS 


SWITCHBOARD TERMINALS 
(MAY BE SLIDING LINK 
TYPE TO FACILITATE 
TESTING) 
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3. Grounding of Instrument Transformer Cases and Cases of Connected 


Equipment 


3.1 Metallic or Conductive Case Grounding 


Metallic or conductive cases and frames of instrument transformers and the cases of connected equipment, such as 
instruments, meters, and relays having accessible conductive parts that may become live in case of faults, should have 
their conductive parts bonded together and effectively connected to a ground system in accordance with the 
recommendations of ANSI C1-1987 [1]. 


In general, the grounding conductor requirements are for wire sizes at least equal to the largest wire size used in the 
windings of the instrument transformer, relay, meter, or instrument, but in no case should grounding conductors be 
smaller than No. 12 AWG copper or its conductive equivalent. If the instrument transformer, relay, meter, or 
instrument has a metal case or frame that is mounted using conductive hardware to a metal panel, switchboard, or other 
conductive structure that is itself adequately grounded, it is not necessary for a separate grounding conductor to be 
provided. 


3.2 Internal Conductive Parts—Insulated Cases 


If any main structural metallic members are isolated from ground by being totally enclosed in insulating material, for 
example, a metal frame relay or instrument in a plastic case, and these metal parts are accessible to personnel 
performing operating maintenance, a protective ground terminal that is connected to the inactive interior conductive 
parts should be provided. The ground terminal should be connected to the ground system per 3.1. If for functional 
reasons these structural members must be isolated from ground, they should not be accessible to personnel. If 
accessible, a warning should be provided calling this hazard to the attention of the maintenance personnel. 


3.3 Ungrounded Metallic or Conductive Cases 


If the cases of equipment should be ungrounded for reasons specified in ANSI C1-1987 [1], they should be protected 
by suitable barriers or elevated to prevent contact if operating at or above | kV. If operating below | kV, mats of 
insulating rubber or other suitable floor insulation should be provided for protection of personnel. If no live or 
conductive parts or wiring are exposed or accessible, cases need not be grounded. 


4. Exceptions to Grounding 


Exceptions to grounding are permissible and sometimes required where advantages obtained by not grounding in 
certain instances or in certain types of installations are considered to outweigh the safety or other advantages obtained 
by grounding. Such exceptions should comply with the recommendations of ANSI C1-1987 [1], even though utilities 
are presently exempt from the requirements of this code. Grounding exceptions are generally permissible under the 
following circumstances. 


1) Ifthe primary windings of instrument transformer circuits are connected to circuits of less than 1000 V with 
no live parts or wiring exposed or accessible to other than qualified persons, the circuits need not be 
grounded. 

2) For instrument transformer cases, the cases or frames of current transformers need not be grounded if the 
primary windings are not over 150 V to ground and are used exclusively to supply current to meters. 
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3) Cases of instruments, meters, and relays operating at less than 1000 V on switchboards having exposed live 
parts on the front of panels should not be grounded. Mats of insulating rubber or other suitable floor 
insulation should be provided where voltage to ground exceeds 150 V. 

4) Instruments, meters, and relays with operating voltage | kV and over (that is, with current-carrying parts of 
1 kV and over to ground) should be isolated by elevation or protected by suitable barriers, grounded metal or 
insulating covers, or guards. Their cases should not be grounded. 


5. Bibliography 


[B1] ANSI C2-1987, National Electrical Safety Code. 
[B2] ANSI/IEEE Std 80-1986, IEEE Guide for Safety in Substation Grounding. 


[B3] ANSI/IEEE Std 142-1982, IEEE Recommended Practice for Grounding of Industrial and Commercial Power 
Systems. 


[B4] ANSIJIEEE C37.90.1-1974 (R1979), IEEE Guide for Surge Withstand Capability (SWC) Tests. 


[B5] ANSI/TEEE C62.92-1987, IEEE Guide for the Application of Neutral Grounding in Electrical Utility Systems, 
Part I—Introduction. 


[B6] IEEE Std 525-1978, IEEE Guide for Selection and Installation of Control and Low-Voltage Cable Systems in 
Substations. 


[B7] ELMORE, W. A. How Relay Circuits Can Be Protected. Electrical World, pp 60-61, February 1, 1972. 


[B8] KOTHEIMER, W. C., and MANKOFF, L. L. Electromagnetic Interference and Solid-State Protective Relays. 
IEEE Transactions on Power Apparatus and Systems, vol PAS-96, pp 1311-1317, July/August 1977. 


[B9] MORRISON, R. Grounding and Shielding Techniques in Instrumentation. New York: John Wiley & Sons, 1967. 


[B10] OWEN, T. B. Electrical System Transients and Sensitive Circuit Control. Electrical Engineering, pp 1023- 
1027, December 1960. 


18 Copyright © 1983 IEEE All Rights Reserved 


